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The fundamental idea underlying all these gears can be grasped by the
examination of one of them. Fig. 20 shows a sectional drawing of a
" Davidson " valve gear as built by Messrs. M. T. Davidson Co., Brooklyn,

New York, and by Messrs. Sir W. H. Bailey & Co., Ltd., Salford,' Man-
chester.
The valve gear consists of a valve, valve pistons, valve pin, and cam.
The valve is controlled and operated by the steel cam c, itself connected
with the main piston rod, acting on the steel pin D, which passes through
the valve into the exhaust port in which the cam is located. In addition